EXIST. COPPER 




PART PLAN - 75th Fl OOP? 


12 


(6 


SCALE IN FEET 


CONDUiT AND CABLE SCHEDULE - STAGE IT & HI 
SWITCHGEAR CONTROL & INDICATION 

CKT. 
DESK*. 

FROM 

TO 

SERVICE 

COT. 

WfRE 

SWiTCHGEAR - LOCAL CONTROL CABINET 

, LC-1 

LOCAL CONTR. CAS. 

SWGR. HV-B1 

CONTROL 

3/4 

1-1 2/C #14 

LC-2 

LOCAL CONTR. CAB. 

SWGR. KV-B2 

CONTROL 

*J/4" 

1-12/C #14 

1^-3 

LOCAL COOTR. CAS. 

SWGR. HV-83 

CONTROL 

3/4' 

1-1 2/C #14 

LC-4 

LOCAL CONTR. CAB. 

SWGR. HV-B4 

CONTROL 

3/4" 

1-12/C #14 













-S.WITCH6EAR - INTERl ocxtm rkrs hv 

B. N. & 

X_ 


SWGR. BKR. T1-3 

BKR. HV-B1 

240V. A.C. 

1-1/2" 

1-19/C #14 


SWGR. BKR. Tl-2 

BKR. HV-B2 

240V. A.C. 

1-1/2" 

1-19/C #14 

1^3 

SWGR. BKR. T3-4 

BKR. HV-B3 

240V. A.C. 

1-1/2" 

1-19/C #14 


SWGR. BKR. T2-4 

BKR. HV-B4 

240V. A.C. 

1-1/2" 

1-19/C #14 

1-1-2 

SWGR. BKR. T1-3 

BKR. T1~4 

240V. A.C. 

1-1/2" 

5-19/? #14 
& 3-f/C #1< 

1-3-4 

SWGR. BKR. T2-4 

BKR. T3-4 

240V. A.C. 

1-1/2" 














REMOTE INDICATION 

TH 

TRANST. TR-1 

BKR. N-1 

DIP N-1 

3/4" 

8 #14 


TRANS'F. TR-2 

BKR. N-2 

DIP N-2 

3/4" 

8 #14 

T3-I 

TRANST. TR-3 

BKR. N~3 

OIP N-3 

3/4" 

S #14 

T4-I 

TRANST, TR-4 

BKR. N-4 

DIP N-4 

3/4" 

8 #14 

UPS-I 

U.P.S. 

CB-R1 

DIP R-1 

3/4" 

4 #14 

LC-I 

LOCAL CONTROL CAB. 

C8-L3 

D(P L-3 

3/4" 

2 #14 

, DIGITAL INSTRUMENT PACKAGF (n\P) 


NOTE;, FOR CON 

SECTION SEE OWG. E-103 
)MMUNICATtONS WIRING OIAGRAM 

3A- 

1-2pr TW SH 

S-2 

SCADA CC 

3/4" 

2-2pr TW SH 







AUTOMATIC TRANSFFR SW. CONTROI CDT 

£=S 

TERM. CAB. #ATS-75A 

TERM. CAB. 
#ATS-75S 

120V 

1 \/f 

22 #12 - - 

C-13 

TERM. CAB. #ATS-75S 

ATS-75SR 

120V 

r 

16 #12 

£=05 

TERM. CAB. #ATS-75S 

ATS-75SL 

120V 

r 

16 #12 

£rIS 

TERM. CAB. #ATS-75S 

EXIST. J.B. 

120V 

3/4- 

4 #12 - - 

C-3S 

TERM. CAB. #ATS-75S 

SWGR BUS #3 

120V 

3/4" 

8 #12 - - 
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•see owe. #F-iflt. Piv<fi. mmiif 


K PANEL CP-75S 
CONDUIT AND CABLE SCHEDULE 


COT. 
DESIGNATION 


CP-75S-1 


CP-75S-2 


CP-75S-7 


CP-75S-8 


CP-75S-9 


CP-75S-10 


CP-75S-11 


CP-75S-12 


CP-75S-13 


CP-75S-14 


CP-75S-15 


CP-75S-16 


CKT 
No 


WIRE 


No & SIZE 


2 #12 
1 #12 


2 #1 
t #1 


TYPE 


XHHW-2 

cm. 


XHHW-2 
GNO. 


2 / 

1 #1 


10 


11 


12 


13 


14 


15 


16 


.7 


2/i 
t /1 


2/ 
1 #» 


VI 


2 #1 
1 #1 


2 #1 
1 II 


VI 


V\ 


VI 


XHHW-2 
GND. 


XHHW-2 
CNO. 


XHHW-2 
CNO. 


XHHW-2 
GND. 


XHHW-2 
GND. 


XHHW-2 
GND. 


XHHW-2 
GND. 


XHHW-2 
GND. 


XHHW-2 
GNO. 


XHHW-2 
GNO. 


SIZE 


3/4" C. 


3/4" C, 


3/4' C. 


3/4" C. 


3/4" C. 


3/4" C. 


3/4" C. 


3/4" C. 


3/4" C. 


3/4" C. 


3/4' C. 


3/4" C. 


-SEE DWG. 9F.-9B. COMMfCTIOfJ nufifVW 


NOTE: 


2. 


3. 


THIS DRAWING SHOWS BOTH STAGE XL AND HI 
WORK COMBINED. FOR SEPARATION OF WORK 
SEE NOTE #3 DWG. #£-53. 

FOR WORK IN ELECTRIC CLOSET "C SEE 
DRAWING E-54. ONE UNE DIAGRAM 

FOR LOCAL CONTROL CABINET DETAIL* SEE 
DRAWING E-107 


I HEREBY CERTIFY THAT THIS IS A TRUE AND CORRECt 
COPY OF ONE OF THE CONTRACT DRAWINGS i CON- 
STITUTING A PAJtT Of CONTRACT tX>.tf/C~&0Z>t 
IN THE FORM IN WHICH SAID DRAWINGS EXISTED AT 
THE TIME THE SAID CONTRACT WAS EXECUTED BY. 
THE PARTIES. 


OATE 


DATE 


OF DESIGN \J 


ENGINEER OF OESKSN 


Sheet 143 or 224 
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6HCF ELECTRICAL ENGINEER ^ 
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Design Civiiionk 


erfler 


Be jar mc it 


ad 


TiUe 

TOWER ONE AND TWO 
LOW VOLTAGE 
SUBSTATIONS 
CONSTRUCTION AND- 
INSTALLATION 

ELECTRICAL v* 

SUBSTATION SS-755! 
STAGE H AND XL 
75th FLOOR PLAN, 
CONTROL CDT. LAYOUT 


No. Datt Revision 


Approvnl 


Th« droving »u6jecl to conftJont in eonVoct ' 
AS Envvntfona, Mms, o>»Jgn» ond m*tho4i# 
h«rafn an riMnnd to Port Aitherity ontf 
moy not be tmd wftbout Its «T3tta< comwCW 
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LEAHY 
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